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£~ EXIST. EBASCO 
OP-UG-77 
WITH ATS 
"-EBASCO RM 
AT 77th FLOOR 


RELOCATION OF FDRS R16. R17 & FUJI 
(SEE THIS OWC. 3c DWC. #£-65 FOR PLANS * SECTIONS) 


HVAC REMOTE CONTROL 
TERMINAL CABINET 

T— HVAC REMOTE 
CONTROL PB 



MIES 

1. -F0R LEGEND SEE DWG. |E~1, FOR GENERAL NOTES, ABBREVIATIONS 
AND UGHTJNC FIXTURE SCHEDULE SEE DWG. f E-2. 

2. -FOR TYPICAL SUBSTATION, STAGE I SEQUENCE OF INSTALLATION SEE DWG. #E-4. 

3. -REMOVE RECEPTACLE AND BRANCH OCT. WIRING (RP-75N-U.5) BACK TO PNL. A8AN00N 
CONDUIT IN ROOR SLAB, CUT CONDUIT STUB-UPS FLUSH WITH FLOOR SLAB AriD POJG CONOUfT. 

4. -WTERCEPT AND REROUTE EXISTING WIRING SYSTEM TO PROVIDE SPACE FOR NEW WSTAtLAliCK. 
PROVIDE JUNCTION BOX AT THE ENDS OF CONDUITS THAT REMAIN. INSTALL WKE » REROUTED 
CONDUIT SECTION AS SHOWN AND SPLICE TO EXISTING WIRES IH JUNCTION BOXES. 

5. -REMOVE AND INSTALL HVAC REMOTE CONTROL CONOUfT AND CABLE RUNS AS SHOWN 
ON PLAN AND AS DESCRIBED BELOW. (FOR CABLE SPEC. SEE NOTE §17 DWC. fE-2) 

A- -CUT EXISTING CONDUIT AND CABLE APPROX. 2'~(f FROM NEAREST COUPLING. REMOVE 
2'-0" ± SECTION Of CONOUIT TO COUPLING EXPOSING CABLE. 

B. -REMOVE CONOUfT AND CABLE RUN TO EXISTING HVAC REM. CONTROL TERMINAL CABINET. 

C. -INSTALL PULL BOX, CONDUIT AND CABLE RUN TO HVAC REM. CONTROL TERMINAL CABINET. 

D. -AT ONE END SPUCE JO EXISTING CABLE IN PULL BOX, AT OTHER ENO CONNECT CABLE 
TO HVAC REMOTE CONTROL TERMINAL CABINET. 

6. -REL0CATE REVENUE METER PAN(S) AND METERS) TO LOCATION SHOWN OH PLAN. REROUTE 
EXISTING METERING WIRING FROM SWITCHBOARDS "L* TO NEW METER LOCATORS). 

7. >FOR CONDUIT ANO CABLE SCHEDULE STAGE I SEE DWG. |E-66. 

8. -ALL ELECTRICAL OUTAGES SHALL BE PERFORMED OUTSIDE NORMAL BUILDING OPERATING 
HOURS. SEE SPECIFICATIONS DIVISION 1 ENTITLED " CONDITIONS AND F>R£CAUTK)NS" FOR 
DECRIPTION OF ELECTRICAL POWER OUTAGE CATEGORIES. ^ fUK 

REDUCE SIZE OF PULL BOX "L" AS SHOWN. 
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DIAGRAM " B" 

HVAC REMOTE CONTROL SYSTEM 
SEE NOTE #5 
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-SEE NOTE #6 


REMOVE METER CAB. 
* TURN OVER TO 
AUTHORITY 
- P.B.#5 FOR CONT. 
SEE DWG. #E-65 
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— ES»SCO-ATS 

INSTALL PB#t. PB#5 & COT'S R-1W-TFUP R-17-7FUP. 
INSTALL CONDUCTORS R-16— TEMP, ft R— 17— TEMP. 
FROM PB#5 TO EBASCO PNL 

CUT AND REMOVE CONDUITS AND CONDUCTORS AS SHOWN. 
INSTALL PBf 5A & COT'S R-16 . R-17 AS SHOWN. 
INSTALL CONDUCTORS R-1Q & R-17 FROM P8I5A 
TO PB#5. 

DISCONNECT CONDUCTORS AT EBASCO PNL 

SPUCE ANO CONNECT CONDUCTORS IN PB#5A, P8#5 

ANO EBASCO PANEL (ENERGIZE) 

- FUJI PANEL PP-SOA fSUPPl Y A/C UNITS w hps py ) 
DEENERGIZE COLLECTOR BUS. 

DISCONNECT AND REMOVE FEEDER AT EBASCO PANEL 

ANO REENERGIZE COLLECTOR BUS. 

REMOVE FDR'S, PB|3 AND PB#6 AS SHOWN. 

INSTALL PB#5B AND CONDUITS AS SHOWN. 

INSTALL FDR ' FUJI-TEMP FROM PB#5 TO FUJ) DISC. SW., 

DEENERGIZE COLLECTOR BUS AND INSTALL FOR FUJI-TEMP 

FROM FUJI C.T. CABINET TO EBASCO PNL. 

REENERGIZE COLLECTOR BUS. 

INSTALL CONDUCTORS FJJJJ FROM PB#58 TO PB#5. 

SPUCE AND CONNECT CONDUCTORS IN P8I5, P8I58, 
FUJI PNL. DISCONNECT SW., C.T. CABINET &6 ' 
EBASCO PANEL (ENERGIZE) 
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-EXIST. JB NEXT 
TO EL CL y 


HOT WATER HFATFfiS 
DISCONNECT FEEDER AT SWGR. "L" 

CUT AND REMOVE CONDUIT ANO CONDUCTORS AS SHOWN. 

INSTALL PB#7 AND FLEXIBLE COT AS SHOWN. 

INSTALL FEEDER L— 2— TEMP. FROM PB#7 TO SWGR. "L\ 

SPUCE AND CONNECT FEEDER IN PB#7 AND AT SWGR. 

(ENERGIZE) 

" FIRE PUMp 
DISCONNECT FEEDER AT SWGR. "L" 

CUT ANO REMOVE CONDUIT ANO CONDUCTORS AS SHOWN. 
INSTALL FLEXIBLE CDT'S AS SHOWN. 

INSTALL FEEDER LBT— TEMP. FROM EXIST. PB TO SWGR. *L\ 
SPUCE AND CONNECT FEEDER IN PB AND AT SWGR. 
(ENERGIZE) 

— ATS-75W1. fSFF DWC. K-BS\ 
DISCONNECT FEEDER AT PANEL EPC-758 ANO ATS-7SWL 
CUT ANO REMOVE CONDUIT ANO CONDUCTORS A3 SHOWN. 
INSTALL FLEXIBLE CDT'S AS SHOWN. 
INSTALL FEEDER B-2-TFMP. FROM ATS TO EPC-758. 

SPUCE AND CONNECT FEEDER IN ATS ANO AT PNL 
(ENERGIZE) 
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